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The modus operandi is first to adjust the dial and Brush V until 
Galvanometer V remains at zero, then adjust the index and Brush 
until Galvanometer remains at zero. The angle indicated is then 
exactly 2 7r]^/T, measuring tlie difference of phase between E.M.F. and 
current. 

It will be seen that as this is a null method, th.e self-induction of 
the galvanometer circuits does not aflPect the results. 



V. '* On the difference of Potential that may be established at 
the Surface of the Ground immediately above and at 
various distances from a buried mass of Metal charge from 
a High Pressure Electric Light Supply/^ By Major 
Cardew, R.E., and Major Bagnold, R.E. Communicated 
by Lord Kelvin, P.R.S. Received June 21, 1894. 

On the 8th January, 1894, an accident occurred at Bournemouth of 
an unusual nature. An omnibus was in the act of drawing up in tlie 
roadway outside the Imperial Hotel, when the horses suddenly fell 
down, and one of them died in a few minutes. 

All the men who assisted in extricating the horses felt tingling* sen- 
sations in their limbs suggestive of electrical shock, and the con- 
nexion from the mains of the Bournemouth Electric Light Company 
to the hotel was known to pass underneath the spot at which the 
accident occurred. 

This Company use the high pressure alternating system at 2,000 
volts pressure, and in the case of this hotel the transformers were 
installed upon the premises. 

On investigation, a defect in the insulation of one of the high pres- 
sure service lines w^as discovered, from which sparking had evidently 
taken place to the enclosing l|^-in. w^rought iron pipe. 

This pipe was 32 ft. long, laid at a depth of about 18 in., and ter- 
minated at a brick junction box under the roadway, and a brick and 
cement area wall at the hotel. The ends were thus fairly insulated, 
while the rest of the pipe was in contact v^ith the earth. 

The accident took place during the progress of a thaw, after a 
very severe frost. 

Upon consideration of the case, Major Cardew reported to the 
Board of Trade that in his opinion the accident was caused by 
leakage from the short length of charged pipe, affecting the poten- 
tial of the surface of the ground to such an extent that between 
the fore and hind feet of the horse a sufficient difference of poten- 
tial was established to give rise to the current vsrhich proved fatal. 

At the same time, as the fact of such a result following from a 
simple contact with ordinary road material was a new experience of 
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tlie possible dangers attending tlie commercial supply of electrical 
energy, it was thonglit desirable to repeat the conditions as nearly 
as possible, and measure tbe results obtained. 

As such an experiment could not, for obyious reasons, be satis- 
factorily carried out in London^ it was arranged that it should be 
tried at Chatliam, where the necessary apparatus was available. 

A first experiment was made on the 2Gth January, 1894. In this a 
length of 33 ft. 3 in. of 2-in. iron pipe was buried to a depth of 
18 in. within the salient of one of the demi-bastions at St. Mary's 
Bari-acks, Chatham. 

A piece of well insulated 37-strand No. 16 cable was inserted in 
this pipe so that the ends of the conductors made good contact 
with, the inside of the pipe at its centre point. 

Over the centre of pipe two 56-lb. weights were placed on the 
surface of the ground, and at a distance of 4 ft. laterally another 
pair of 56-lb. weights were similarly placed. 

A 16-kilowatt alternator was connected by means of an under- 
ground cable laid in stoneware pipes to the piece of cable in the 
2-in. pipe. 

The other pole of the alternator was connected to a l-|-in. service 
pipe in connexion with the barrack water mains. One end of this 
service pipe was in connexion witb a hydraulic ram set in the ground 
at a distance of 140 ft. from the piece of buried pipe. 

An 800-volt. Thomson static voltmeter was connected across tbe 
terminals of the alternator, and a pair of leads, well insulated, 
were attached by means of screws to the two pairs of weights situ- 
ated over the buried pipe. These leads were run back togetber to 
tbe experiment room, and were connected alternately to a 140-volt 
static voltmeter and a Cardew voltmeter. 

The voltage of the alternator was varied by means of the exciting 
current which was taken from accumulators. 

The readings on both voltmeters are given in Table I. 

As the earth resistance was rather low, the alternator could not be 
run up above 400 volts without overheating the armature. 

Fig. 1 is a diagram of the arrangement. 

The results show a potential difference between points 4 ft. apart 
on the surface of over 20 per cent, of the whole P.D. used to charge 
the pipe when measured statically, and even when a current of nearly 
1/10 ampere was drawn from the ground through a Cardew volt- 
meter the P.D. was more than 10 per cent, of the whole. 

The propinquity of the scarp walls, however, appeared likely to 
have, to some extent, influenced the direction of the lines of flow of 
current, and it was determined to repeat it, changing the position of 
the pipe and extending the tests to a greater distance from the pipe. 
The second experiment was carried out on the 16th March, 1894. 
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Table I. — Experiment of 26tli Jannarj, 1894. 



Beading's of 


E.eadinp's across weif^lits. 




statical 
voltmeter on 






Remarks. 






terminals 


On Cardew 


On statical 




of alternator. 


voltmeter. 


voltmeter. 




294 




Q2 


Resistance of earth 


290 


— 


61 


circuit before run 17 


305 


30 




ohms. 


310 


30 




Distance between 


376 


38 




weights 4 ft. ; weights, 


380 


40 




each, 2/56 lbs. 


400 


43 




Soil loamy and very 


390 




83 


wet. 


375 




81 


About 80 periods per 


385 




82-5 


second. 


390 




83 




394 




84 




400 




86 




398 




85 




400 




86 




403 




87*5 





Jm^ XVX« ft. • 



m unit Siemens 
Alternatoj 



640^^ 



60 




Water Main 



The arrangements are sliown on fig. 2, and tlie results given in 

Table II. 

An interesting note made on this experiment is as follows : — - 
'• The soil in which the pipe was buried was loamj, and when 
digging the trench no worms were noticed, but towards the conclu- 
sion of the experiment it w^as observed that hnndreds of worms came 
to the surface between 3 ft. and 9 ft. on either side of the pipe ; no 
worms appeared, however, immediately over the pipe.' 
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Fia. 2. 




^vj^rmsTi 



yaiTMer m 






4» 

.* i , 



SC^L£^-^ 



,r* 



Tbe grotind was miicli drier tlian was the case in tlie first experi- 
ment, and, probably in consequence of tMs, it appears that while the 
statical P.D. between the two first weights is relatiTely greater in 
the second than in the first experiment, the P.D. obtained with a 
current-using instrnment is relatively less. 

The statical P.D/s to be observed extended rather beyond the 
range of one voltmeter. Thus, between weights A and B no statical 
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Table II. — Experiment of IGtli March., 1894. 



Headings on 

statical 
voltmeter on 

terminals 
of alternator. 



575 
590 
600 
610 
610 



610 



Headings across weiglits. 



On Oardew 
voltmeter. 



610 
610 



550 

570 
600 
610 
620 

620 



On statical 
voltmeter. 



Weights A and B. 



340 




( 105 


425 




130 


440 




140 


408 


28 


— 


445 


29-5 




485 


33 




515 


36 


— 


550 


37-5 


— 


590 


42 




610 


43 




620 


43-5 


— 



Weiglits B and C. 

102 
106 
108 
110 

28-5 



Weights C and D. 

15 



Weiglits B and D. 



37-5 



135 



Weights A and 0. 



505 


55 


520 


55*5 


550 


56 


590 


60 


600 


60-5 


610 


60-75 



Weights A and D. 



64 

m 

70 

70-75 
71 5 

73 



Eiemarks, 



Weights, each 1/56 
lbs. 

Frequency about 80. 

Weights 4 ft. 5 in. 
apart from centre to 
centre in a line at 
right angles to pipe, 
and about the centre 
of its ]eagth. 



Pipe buried to same 
depth as in first ex- 
periment. 

Soil rather dry. 



P.D. too large for 
statical voltmeter. 



P.D. too large for 
statical voltmeter. 
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observations could be taken beyond a charging pressure of 440 volts, 
wbile betv^een v^reiglits C and D the P.D., even w^ith 610 volt charging 
pressure, v^as too small for exact measurement. 

By interpolating an approximate value for the fall of potential 
betvp'een A and B from the readings obtained on the Cardew volt- 
meter, a rough curve of the fall of potential on the surface of the 
ground for a charging pressure of 610 volts is obtained, as shown in 
fig. 3, Curve a, the height of the curve above absolute zero being 
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made consistent with the evident approach of the curve to its 
asymptote at D. In this case, therefore, the effect of the leakage 
extended to a distance of about 14 ft. from the pipe, and the fall of 
potential on the surface appears to have been most rapid at a distance 
from the line immediately above the pipe equal to twice the depth at 
which it was buried. 

A third experiment was carried out on the 22nd May, 1894, with 
the same arrangements as in the second experiment. The objects for 
which this was undertaken were chiefly to obtain a record of the 
variation of P.D. on the surface with the charging current, which 
had not been previously recorded, to obtain results from charging 
with continuous, as well as alternating, current, and to extend the 
investigation as regards the latter. 

Unfortunately, the continuous current generator could not be used, 
owing to a mechanical defect, which coald not be removed in the 
limited time available. Still, the results obtained with alternating 
current are, it is considered, of some value, especially as the condition 
of the ground was diflPerent from that which existed at the time of 

VOL. LTI. s 
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eitlier of the two former experiments, it being wet on tlie surface 
witli rain falling during a portion of tlie time, and dry nnderneatli. 

Curve h in fig. 3 appears to sliow bj its form the effect of this state 
of the soil, the fall of potential from B to D being approximately 
indicated by a straight line. That is to say that the current flow was 
practically entirely confined to the surface layer. The curve is 
deduced from the results of experiments shown in Table III for a 
charging pressure of 550 volts. 



Table III. -Experiment of 22nd May, 1894. 



1 

2 

4 

6 

9 

10 

11 

12 

13 



14 
15 
16 

17 
18 
19 



20 
21 

22 
23 
24 
25 
26 
27 



At iiiacliine. 



Yolts. 



300 
345 

370 
387 
430 
500 
550 
610 
625 



470 
505 
550 
565 
610 
625 



495 
530 
555 



Current. 



13-3 
15*17 
16-4 
17 

18-8 
21 '7 
24 -35 

27 -75 
28-8 



21-79 

22-1 
25-63 

26-7 
28-6 
29 



23-11 

24-3 

25-53 

26-4 

21-79 

24-35 

25-3 

26-4 



Exciting 
current. 



12 
13-5 
14-26 
15 -75 
12 

13-5 
14 25 
15-75 



Heading 


s across 


weioiits. 


On 


On 


Cardew 


st atical 


voltmeter- 


voltmeter. 


Weights 


A and B. 




65 


— 


75 




80^ 




841- 


— 


95 




107 




3 22^ 




135 


— 


142 



Weights A and C. 



40 

43^ 

47 

50 

56 

69 



Weights A and D. 

55 

69i 

63^ 

67i 

225 
245 
255 
262 



Remarks. 



Weather wet after 
dry. Wet surface, 
dry underneath. 

Weights, each, 1/56 
lbs., and arranged 
as in second experi- 
ment. 

Pipe buried to same 
depth. 



In order to obtain a direct indication of the statical P.D. between 
weights A and B^ the voltmeter v^hich had been used for recording 
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the clia.rging pressure was connected to these points and observations 
taken, when tlie exciting current for the field magnets of the dynamo 
and the charging current to the pipe were practically the same as in 
a previous set of experiments, for which the charging volts were 
known. Both sets of experiments are shown in the table. The dis- 
turbance of the worms was again very distinct, and they appeared, 
on reaching the surface, to set their bodies parallel to the pipe, or 
along an equipotential line. 

The experiments, as a whole, show conclusively that, under very 
different conditions of weather and amount of moisture in the soil, it 
is possible to produce a fall of potential Skmo anting to 25 per cent, of 
the whole pressure in the supply between points on the surface of the 
ground 4 ft. apart, a distance which most horses stand over, and, 
further, that, although the connexion of such points by a conducting 
body naturally reduces this potential difference, yet, when this con- 
ductor has about the resistance of a horse (say 400 ohms), sufficient 
current will pass to give a severe shock. 

It is hoped that, when opportunity serves, these experiments may 
be extended to the case of pipes buried to greater depths, and to 
observe whether any difference is produced by the use of a steady, in 
place of an alternating pressure. 



VI. '' On the Viscosity of Water as determined by Mr. J. B. 
Hannay by means of his Microrheometer." By Robert 
E. Barnett, A.R.C.S. Communicated by Professor T. E. 
Thorpe, F.R.S. Received May 6, 1894. 

In a paper entitled " On the Microrheometer," published in the 
^ Philosophical Transactions ' for 1879, Vol. 170, p. 275, Mr. J. B. 
Hannay describes an apparatus with which he made measurements 
of the rate of flow of water, and of some aqueous saline solutions 
through a capillary tube, and he deduces from the observations cer- 
tain relations between the chemical nature of the salt dissolved, and 
its effect on the rate of flow of water. 

Inasmuch as Mr. Hannay furnishes us with details of the dimen- 
sions of his, apparatus, I have, at Professor Thorpe's snggestion, 
transformed his relative numbers into absolute measure of viscosity 
in order to compare his results with those of other workers. The 
data given are as follows : — 

Diameter of capillary tube = 0*0938 mm. 
Length „ = 21 mm. 

Capacity of glass bulb = 4*0530 c.c. 

The time of flow was measured by a stop-watch, and each number 
recorded was the mean of ten observations, 
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